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rx CLOSER 4 POSITIVE LATCHING 
PASSAGE SET 


TEMPORARY EXIT SIGN (TYPJ 


CONSTRUCTION EGRESS$ DOOR U/ E 
CLOSER 4 POSITIVE LATCHING TATHAGI ERES - 
PASSAGE SET ADD. ALTERNATE *l TEMPORARY CONSTRUCTION BARRIER iU 

- Á CONSTRUCTION EGRESS$ DOOR U/ z 





m EXT UN 
mr. TEMPORARY EXIT SIGN (TYP.) 
[ener PHASE DIVIDING UALL 


AREA TO REMAIN OCCUPIED 


CAMPUS RENOVATIONS 
PC: 260-17712 


WARSAW -4 GLENNS, VIRGINIA 





DECK ON BAR JOIS1S ON 


RAPPAHANNOCK 
COMMUNITY COLLEGE 


























EXISTING LIGHT FIXTURES 
TEMPORARILY SUPPORT 4 
PROVIDE POUER DURING 
CONSTRUCTION UNTIL PERM. 
LIGHTING I$ FUNCTIONAL 
-PHASE 2 ONLY. ENSURE (D FT. 
CANDLE MIN, I$ PROVIDED 
ON BOTH SIDES 


LOU POINT OF NEU CEILING 
: £'-6" AFF. 


12" FRT. PLYUCOD 
9 PHASE | UALL ONLY 


/ AN ENLARGED PHASE 2 PLAN : «c seen n — pem ta 2^ 


dn bez SCALE: 3/22" » l'-2" SCALE. 3/22"«]-" 





























3 5/£" le GA. MTL. STUDS 
9 48" OC. MAX. U/ e" 
20 GA. MTL RUNNERS 
BOTH SIDES 


5/8" GUB BOTH SIDES 
3 5/8" MTL. STUDS 








EXISTING 8" CMU BEARING le" OC. MAX. 
CORRIDOR UALL 
AREA TO REMAIN OCCUPIED 
SEHE CHASOBOOM Fro ddl TEMPORARY EXIT SIGN (TYP) 




















4'-O" CLEAR MIN. 





MAIN MECHANICAL / ELECTRICAL / 
PLUMBING / $PRINXKLER AREAS 





EXISTING EGRE$9 DOOR 
AREA TO REMAIN OCCUPIED 
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NEU EGRE$$ DOORS 
LOCK LEFT DOOR 4 POST SIGN 
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SECTION 9 CONSTRUCTION BARRIER UALL 
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CLOSER 4 POSITIVE LATCHING 
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NA SCALE: V2" « -g" 


4'-O' CLEAR 
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42'-5 3/8" 












GENERAL NOTE: 


Date: 
. PROVIDE TEMPORARY EMERGENCY EGRES9 LIGHTING ALONG EGRES9 PATHS CREATED BY ate 


JANUARY 12, 2012 


TEMRPORARY EGRES9 DOOR U/ 
CLOSER £ PANIC HARDUARE REVISIONS 





DATE 
REY. UORK 3/3201 
REV. UORK 4/2/2010 





. ALL UORK ABOVE EGRES9S PATHS AND CONSTRUCTION BARRIERS I$ TO BE PERFORMED 
DURING NON-CLAS9 HOURS. 
. THE GC. I$ TO PROVIDE AND INSTALL TEMPORARY CONSTRUCTION LIGHTING THAT I$ TO PROVIDE 
| FOOT-CANDLE MINIMUM. ILLUMINATION. 
. THE GC. I$ TO CONTACT THE STATE FIRE MARSHAL TO INSPECT TEMPORARY PASSAGEUAYS 
ONCE COMPLETE. 








I'-2" MIN. 


























FN STEPHEN FLOYD 


CYBULSKI 


DENOTES AREAS NOT TO BE RENOVATED EXCEPT 
INSTALLATION OF NEU SPRINKLER SYSTEM 








SECOND PATH CF EGRESS 


TEMPORARY "EMERGENCY EGRE$9 ONLY" 
SIGN AND DOOR OPEN ALARM 


^L 
TEMPORARY EXIT SIGN (TYP 
"T" ADA TURN AROUND 
TEMPORARY CONSTRUCTION BARRIER 


Lic.NO.013047 














TEMPORARY EGRES9 PATHS 
TEMPORARY EXIT SIGN (TYP.) 


ENLARGED PHASE 1 PLAN ::cxe enne ua 


UJ SCALE: 3/22" - I'-2" SCALE: 3/22".|-2" 
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